


Institutional Archive of the Naval Postgraduate School 





Calhoun: The NPS Institutional Archive 
DSpace Repository 


Theses and Dissertations 1. Thesis and Dissertation Collection, all items 


1976-09 


A test facility to measure heat transfer 
performance of advanced condenser tubes 


Beck, Andrew Conrad II 


Monterey, California. Naval Postgraduate School 
http://ndl.handle.net/10945/17974 


This publication is a work of the U.S. Government as defined in Title 17, United 
States Code, Section 101. Copyright protection is not available for this work in the 
United States. 


Downloaded from NPS Archive: Calhoun 


Calhoun is the Naval Postgraduate School's public access digital repository for 
| (8 D U DLEY research materials and institutional publications created by the NPS community. 
«ist Ser Calhoun is named for Professor of Mathematics Guy K. Calhoun, NPS's first 


NY KNOX appointed — and published -- scholarly author. 

ies) LIBRARY Dudley Knox Library / Naval Postgraduate School 

411 Dyer Road / 1 University Circle 
Monterey, California USA 93943 





http://www.nps.edu/library 


A TEST FACILITY TO MEASURE HEAT TRANSFER 
PERFORMANCE OF ADVANCED CONDENSER TUBES 


Andrew Conrad Beck 








NAVAL POSTGRADUATE SCHOOL 


Monterey, California 





Led 


Peso ACTRITY TO MEASURE HEAT TRANSFER 
PERFORMANCE OF ADVANCED CONDENSER TUBES 


by 


Andrew Conrad Beck II 


December 1976 


Times lsmocy1lSOr: P. J. Marto 





Approved for public release; distribution unlimited. 


7176086 





UNCLASSIFIED 


SECURITY CLASSIFICATION OF THIS PAGE (When Date Entered) 


REPORT DOCUMENTATION PAGE 


. REPORT NUMBER 2. GOVT ACCESSION NO. 


4. TITLE (and Subdttiie) 


A Test Facility to Measure Heat 
Transfer Performance of Advanced 
Condenser Tubes 








READ INSTRUCTIONS 
BEFORE COMPLETING FORM 


3. RECIPIENT'S CATALOG NUMBER 
















S. TYPE OF REPORT & PERIOO COVERED 
Masters Thesis; 


December 1976 


6. PERFORMING ORG. REPORT NUMBER 


8. CONTRACT OR GRANT NUMM@ER(2) 










7. AUTHOR(a) 





Andrew Conrad Beck II 









10. PROGRAM ELEMENT, PROJECT, TASK 
AREA & WORK UNIT NUMBERS 


12. REPORT OATE 
December 1976 
13. MUM@ER OF PAGES 


1S. SECURITY CLASS. (of thie report) 


9. PERFORMING ORGANIZATION NAME ANO ADORESS 
Naval Postgraduate School 
Monterey, California 93940 











CONTROLLING OF FICE NAME ANDO ADORESS 
Naval Postgraduate School 
Monterey, California 93940 











4. MONITORING AGENCY NAME & AQCORESS(if different from Controiling Office) 







Unclassified 





Sa. OECLASSIFICATION/ DOWNGRADING 


SCHEOULE ! 





16. OISTRIBUTION STATEMENT (of thia Report) 


Peetoved Lor public release; distribution unlimited. 


17. DISTRIBUTION STATEMENT (of the abetrect entered in Block 20, if difierent fren Regort) 


18. SUPPLEMENTARY NOTES 


19. KEY WORDS (Continue on reverse «ide if neceseary and identity oy biock numeer) 


Condenser Tube 
Heat Transfer 


20. ABSTRACT (Continue on reveree side if neceeeary and identify dy bieek mumeer) 

An experimental test facility capable of investigating 
plain and enhanced condenser tube heat transfer characteristics 
was designed and built. The completed facility, including a 
stainless steel test condenser, has the capability of testing 
tubes under simulated marine conditions utilizing variable 
steam flowrate and orientation, cooling water flowrate and 
temperature, vacuum pressure, non-condensable gas concentration, 





FORM 
DO , es 1473 EDITION OF | NOV 65 1S OBSOLETE UNCLASSIFIED 
(Page 1) S/N 0102°014- 6601 | ee 
SECURITY CLASSIFICATION OF THIS PAGE (When Data Entered) 


iL 


UNCLASSIFIED 


SECURITY CLASSIFICATION OF THIS PAGE(WhHen Dota Entered 





and condensate inundation effects. 

The test condenser has the capability of being tested 
with a wide variety of tubing configurations and has glass 
windows on both sides to view the condensation process over 
nearly its entire length. Initial tests will be performed 
using 5/8 inch tubes. 

Data will be automatically gathered and processed to 
yield the overall, internal and external heat transfer 
coefficients of corrugated or internally finned tubes 
Operating with filmwise or dropwise condensation. 





DD ae 1473 UNCLASSIFIED 


ae 
=f N 0102-014-6601 2 SEZURITY CLASSIFICATION OF THIS PaGE (Wher Data Er 


A Test Facility to Measure Heat Transfer 
Performance of Advanced Condenser Tubes 


by 
Andrew Conrad Beck ai 


Lieutenant Commander, United States Navy 
B.S., United States Naval Academy, 1966 


Submitted in partial fulfillment of the 
requirements for the degree of 


MASTER OF SCIENCE IN MECHANICAL ENGINEERING 


from the 


NAVAL POSTGRADUATE SCHOOL 
December 1976 


ABSTRACT 


An experimental test facility capable of investigating 
plain and enhanced condenser tube heat transfer character- 
istics was designed and built. The completed facility, 
including a stainless steel test condenser, has the capability 
of testing tubes under simulated marine conditions utilizing 
variable steam flowrate and orientation, cooling water flow- 
rate and temperature, vacuum pressure, non-condensable gas | 
concentration, and condensate inundation effects. 

The test condenser has the capability of being tested 
with a wide variety of tubing configurations and has glass 
windows on both sides to view the condensation process over 
nearly its entire length. Initial tests will be performed 
using 5/8 inch tubes. 

Data will be automatically gathered and processed to 
yield the overall, internal and external heat transfer 
coefficients of corrugated or internally finned tubes 


operating with filmwise or dropwise condensation. 
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iN TS RODUCT ION 


A. BACKGROUND INFORMATION 

Marine steam condenser design has become more important 
in recent years. Improvements in turbine machinery and boiler 
design have brought about an increase in the horsepower to 
weight ratio of marine propulsion systems. However, there 
has been no similar improvement, in practice, in the steam 
plant condenser. Consequently, increased power output has 
necessitated increased condenser size. This trend cannot 
continue,or the condenser will become Phe cence rollincge tac tom 
in the marine steam propulsion installation [1]. 

The question then raised is, "Why do we need steam 
propulsion plants in the marine context?" The alternatives 
are diesel engines, gas turbine engines, or nuclear power 
plants. Since nuclear power plants utilize steam to transfer 
thermal energy to the turbine, as do conventional steam 
propulsion plants, they will be considered as conventional 
steam power plants for the purpose of condenser discussion. 
Diesel engines have proven to be reliable in many applications, 
but they have a low horsepower to weight ratio which makes 
them undesirable where very high horsepower is required. 
Furthermore, they are difficult to apply to a reversing 
application. The gas turbine is a formidable competitor 
of steam propulsion. When a gas turbine is used in 


ScoOmunctlonawitih a controllable pitch propeller, 1t can be 
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quite efficient. The initial cost of a gas turbine Teme 
when compared with the steam propulsion plant, and the 
horsepower to weight ratio is extremely attractive. However, 
the marine environment is very corrosive,and sulfidation or 
"hot corrosion" takes a heavy toll on the gas turbine engine, 
Since the use of the gas turbine is relatively recent in 

the U.S. Maritime community, the experience level of the 
operating personnel is limited. In contrast, steam propul- 
Sion systems have been used successfully for many years. 

A wealth of experience has been gained, and reliability of 
steam propulsion has been well documented. This has 
importance to the commercial shipping industry in quest of 

a crew and a reliable ship. It also has importance to the 
Navy, which has decided to make extensive use of Nuclear 
Power, with its associated steam propulsion plants. 
Consequently the steam propulsion plant has a permanent 
place in both military and commercial applications for the 


foreseeable future. 





Of specific interest to the U.S. Navy is increased effi- 
ciency, not only engine efficiency, but also combat efficiency 
By increasing engine efficiency, cruising radius is expanded, 
and logistics problems are reduced. If smaller condensers 
are produced, there could possibly be a manufacturing cost 
Savings as well as a weight and space savings, resulting in | 
increased combat effectiveness. It may be within the state- 


of-the-art to reduce weight, size, and cost of condensers. 
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However, large Marine condensers, utilizing advanced tube 
designs have not been built. The reason for this has been 
apparent lack of confidence that they will work as expected, 
plus the fact that those presently in use with standard tubes 
have been very reliable. 

Practical marine steam condenser design is based almost 
exclusively upon two documents. The Heat Exchange Institute 
Standards for Steam Surface Condensers (HEI) [2] and the 
Standards of Tubular Exchange Manufacturers Association 
SeMeapeio}. The U.S. Navy amplifies the HEI information in 
the Design Data Sheet (DDS) [4]. These standards have 
proven to be reliable. However, it 1s evident that the 
resulting condensers are significantly overdesigned. This 
is due in large measure to the use of average values for 
heat transfer coefficients rather than local values which 
vary throughout the condenser. 

Obvious in the overdesign of naval condensers is increased 
weight with a greater resultant displacement and wetted hull 
area. The machinery spaces are more crowded and less available 
for maintenance. A less obvious problem, more detrimental to 
plant operation, is overdesign for full power operation and 
then operation at reduced power. The problem then is 
inefficient operation due to cooling of the condensate below 
the saturation temperature. It is also possible that the 
assumed fouling factors are overly generous, which increases 


the design size of the condenser [5]. 


1S 


B. CONDENSER HEAT TRANSFER 

With the advent of heat transfer enhancement concepts, 
much data is needed to refine the existing condenser design 
methods. Computer aided design has become a reality. 
Oakridge National Laboratory has developed the ORCON 1 
computer program, which Lt. Harry T. Search, USN, used 
extensively in his feasibility study of enhanced condensa- 
tion methods. He showed that the configuration of tubes, 
baffles, tube sheets, steam inlet, air ejector placement, 
and condensate affect overall heat transfer [6]. 

The Westinghouse Corporation has also developed a radial 
flow design program to synthesize its condenser designs. 
Their program has been used to design large station 
condensers [7]. The increased use of the computer in 
condenser design and data reduction and the reality of tube 


enhancement have necessitated comprehensive experimentation 


to investigate the myriad of possible condenser configurations 


Experimental data must be obtained to verify the existing 


computer codes and lend credence to computer design assumptior 
To aid in understanding tube enhancement techn tau sao 


useful to think of heat flow as an electric current controlle 


by a potential (temperature difference) across a resistance 
Or series of resistances [8]. In equation form this is 


expressed as: 
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t 
| 








Rate of Heat Flow _ Thermal Potential Difference 





Per Unit Are ; vo 
is = Thermal Resistance 


The thermal resistances pertinent to the condenser 


problem are as follows: 


1. Internal Convective Film Resistance = R; 
cep olacds Fouling Resistance ~ Re 
3. Tube Wall Resistance = RT 
4. Condensate Film Resistance - Ro 
5. Non-Condensable Gas Film Resistance ~ Be 


The sum of these resistances is the reciprocal of the 
overall heat transfer coefficient, Us. [9]. The condenser 
heat duty is then defined as a function of the overall heat 


transfer coefficient, as given below: 


Q = Us A LMTD 2) 
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where Q is the heat transfer rate, 
A is heat transfer surface area, and 


LMTD is the log mean temperature difference between 
the outside and the inside fluids. 


The approach to enhanced heat transfer is to reduce any 
or all of these resistances or to increase Uo: Those 
resistances with the greatest relative magnitudes offer the 
greatest opportunity to reduce the overall resistance to 
heat transfer. The solids fouling resistance (Re) is a 
function of the cleanliness of the system. In a controlled 
experiment it can be measured or reduced to zero, but in 
practical condensers it can never be eliminated. The tube 


wall resistance (R) 1s dependent upon the tube wall thick- 





ness and the thermal conductivity, which is fixed for a 
: 


particular material. In controlled test conditions the non- 
condensable gas film resistance can be reduced essentially 
to zero, if care is taken during construction and operation 


of the equipment. The two remaining resistances are the 





convective film resistance, R, (internal, cooling water), 

and the condensate film resistance, Ry (external, condensate) 
With conventional condenser designs, these last two resistanc 
form the greatest portion of the overall resistance, with the 
convective resistance being the larger of the two. See | 
Figure l. 


A great deal of research has been done in the area of 


heat transfer augmentation. A recent and very informative 


1:8 


compilation of the augmentation methods was presented by 


Bergles [10,11]. He categorized augmentation techniques 


into three areas: 
Passive Techniques, consisting of 


Treated surfaces, 

Rough surfaces, 

Extended surfaces, 

Enhanced tubes, 

Displaced Enhancement devices, 
Swirl flow devices, 

Coiled tubes, 

Surface tension devices, 


Additives for liquids (liquid, solid, gas), and 


Additives for gases (liguid, solid). 
Active Techniques, consisting of 


Mechanical aids, 
Surface vibration, 

mrlmuce vibration, 
BaeeGtric fields, 
Injection, and 
Suceron. 


Compound Technigues, consisting of 


any combination of the above categories or 


subcategories. 


Bergles' recommendations indicate that much 


rundamental work remains to be done in each of 
For condensing applications in particular, the 
promising techniques include treated surfaces 

Surfaces. Treated surfaces will be considered 
heading of dropwise condensation, and enhanced 


the heading of geometric enhancement. 


C. DROPWISE CONDENSATION ENHANCEMENT METHODS 


these areas. 
two most 
and enhanced 
under the 


Sin iaces meander 


There are two modes of condensation. One is dropwise 


and the other is filmwise. If dropwise condensation could 


be induced and maintained, there would be a large increase, 


IN 


on the order of two hundred percent, in the heat transfer 
coefficient. The dropwise condensation mode can be induced 
by promoters, or non-wetting agents. The non-wetting agents 
cause the drops, formed at small pits or scratches called 
nucleation sites, to remain discrete. Because the drops 
remain discrete, no continuous film develops. This is 
important because discrete drops are many times smaller than 
a film of condensate, giving much higher heat transfer 
coefficients. 

The dropwise condensation mechanism is presently 


considered to involve four phases: 


l. Nucleation of sma lh varorcs 





Decreasing 
2. Condensation on these small drops rate of 
and coalescence growth of 
3. Coalescence of larger drops condensation. 
drops 


4. Departure of large dmuops. 


The theory is that heat is transferred through the 
numerous small drops (nucleation phase) which then coalesce. 
Further, the condensation, coalescence, and departure phases 
serve to impede heat transfer by progressively insulating 
that portion of the surface covered by drops [12]. Therefore 
to increase heat transfer or decrease the resistance, the 
coalescence and departure phases should be accelerated. | 

There are four accepted methods of promoting dropwise 


condensation. They are: 
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1. Plating the surface with noble metals, 
2. Chemically attaching promoters to the surface, 
See iinyecting promoters into the steam, and 


4. Physically attaching permanent promoters to the 
Surface. 


Considerable experimentation using noble metals has been 
conducted by Erb, at the Franklin Institute. He found that 
gold promoted dropwise condensation throughout the tests, 
which were as long as 150 days [13]. As late as 1973, 

Erb wrote that more engineering study was needed in the 
heat transfer area of dropwise condensation under varying 
operating conditions [14]. 

The second method of promoting dropwise condensation 
involves applying a thin coating of a promoter, such as 
Oils, montan wax, or Benzyl mercaptan, to a test surface [15]. 
Many chemical non-wetting agents have been tried in this 
fashion, but each of them promoted dropwise condensation for 
only a short period of time (about 100 hours on the average) 
eve). 

The third and more practical method of using chemical 
promoters is to inject the promoter into the steam flow. 
This is done periodically as the dropwise condensation mode 
begins to revert to the filmwise mode due to removal of the 
promoter by the steam. Boiler manufacturers look askance, 
with justification, at any additives in the steam cycle. 
Research is needed to allay their fears. Among the substances 


used in steam injection have been montan wax, filming amines, 
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Xanthates, Selenium compounds, Disulphides, and a host of 
others. Limited tests were actually conducted on a marine 
condenser of the S.S. Normannia (British Transport 
Commission). However, no heat transfer data was collected, 
except to note the effective length of time and the overall 


usefulness of the varlous compounds tried [16,17]. 







Condensation data on tubes was found to be scarce within) 
the dropwise condensation literature. Watson at The Admirali 
Materials Laboratory, London, conducted large scale experi- 
mentation injecting montan wax into a condenser containing 
45 tubes. The results showed that montan wax performed well | 
at low steam temperatures in a vacuum environment. Further 
tests examining the effect of condensate flooding, or 
inundation, on tubes deep within the condenser were conducteé 
uSing a condenser with 33 tubes, arranged in a close packed 
hexagonal array, ll tubes deep. The top, center tube was 
configured to be used as an inlet to supply condensate to 
Simulate flooding conditions in the bottom portions of a 
tube bank [17]. | 

The final method of dropwise promotion involves the 
physical attachment of permanent promoters to the condensing 
surface. This method presently holds the greatest attraction| 
for dropwise researchers with teflon receiving the most 
attention. In the late 1950's and early 1960's, there were 
several researchers who investigated some of the emerging 


teflon coatings on tubes. E. F. Coxe of the Westinghouse 


De 


Corporation performed a series of tests culminating in the 
use of a 12 square foot heat exchanger. This experiment was 
unique in that a vertical baffle was installed in the heat 
exchanger separating four rows of tubes. On one side of the 
baffle, the tubes were coated with teflon; and on the other 
sSide,the tubes were uncoated. The condensate from each 

Side was collected separately to allow for individual calcu- 
lations of the heat transfer. This was one of the most 
promising designs of condensers encountered for comparative 
heat transfer analysis, with the capability of investigating 
Simulated conditions found in a marine condenser. However, 
after 40 hours of operation the uncoated tubes started to 
exhibit dropwise condensation. The contamination causing 
this phenomenon was never isolated. After approximately 

100 hours of operation one of the teflon coated tubes was 
deliberately damaged by removing a small section of the 
teflon coating. Further testing showed no continued degrada- 
tion of the teflon bond. Mr. Coxe recommended that extended 
tests be conducted to determine the endurance of the teflon 
tube coating [18]. During the same time frame,the Naval 
Engineering Experiment Station at Annapolis, Maryland,was 
tasked with examining condensation on teflon coated tubes. 


A single tube calorimeter was used to test each of S1x 60-inch 


long tubes, with 117 ft/sec steam velocity. The results 


indicated an average increase of ten percent in overall heat 


transfer coefficient in the teflon coated tube over the 


bare tube [19]. It was noted that the parameters of operation 


Zo 


in this experiment, as would be expected, closely resembled 
those which can be found on a Navy ship. However, the 
geometry and flow conditions were not similar to those found 
in a marine condenser, and the teflon coating may have been 


COO “emise kc. 


D. GEOMETRIC TUBE ENHANCEMENT METHODS 

The other major thermal resistance, Rs is due to 
convection of the cooling fluid within the tube. Ata 
cooling water velocity of 10 feet per second (near that 
found in marine condensers) it has been established that 
the ratio of convective film resistance (R,) to condensate 
film resistance (R,) for a plain tube is approximately 2.5:18 
See Figure 1. This indicates that tube enhancement efforts 
which concentrate on reducing the convective film resistance 
could be more beneficial than efforts dedicated to the 
reduction of the condensate film resistance. 

There are many methods being used to try to reduce the 
convective film resistance. Most of these employ changes 
in the tube shape to increase the turbulent mixing in the 


cooling water. Some of the methods include: 





1. Swirling the flow with twisted tapes inside the tubeg 


2. Roughening the inner surface of the tubes, | 

i 

3. Increasing the cooling water velocity within the | 
tube, and 


| 
| 
4.) €orrugating themenNbes | 


| 
Unfortunately any of these methods increases the work require 


| 
| 


to pump cooling fluid through a tube. If no increase in 
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work input is desired, then the cooling water velocity must 
be decreased. 

In the late 1960's at the gs eeotey Cie venhi gana st laos 
and Young [20] constructed a steam condensing system to test 
heat transfer in copper and titanium tubes. The system 
consisted of a reboiler and a condenser 18 inches in 
diameter and 6 feet long. Tubes could be changed by changing 
the tube sheet. In the early 1970's, Withers and Young 
tested a proprietary tube shape called "corrugated tube" 
in the same facility. Corrugated and plain tubes were 
tested in these experiments [21]. By 1975, more experimen- 
tation had been done at the facility by Withers and Young 
to test additional tubes (Figure 2). This work tended to 
verify their previously obtained results [22]. Withers and 
Young reported as a result of these experiments that ae 
had witnessed a decrease in both the convective film and the 
condensate film resistances, with an overall significant 
increase in heat transfer [21,22]. 

In the late 1960's, Oak Ridge National Laboratory 
developed the "roped tube" (Figure 3) in an effort to 
optimize heat transfer without increasing the required 
pumping power significantly. Since the need for a multiple 
condenser test was also recognized, a test apparatus was 
built by Eissenberg in approximately 1970 [9]. His design 
had many noteworthy features. It incorporated an Inconel 
eeondenser, 3 feet in diameter and 8 feet long, which 


accommodated 163 one-inch diameter tubes 7-1/2 feet long. 
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These were arranged in an equilateral triangular pitch 
with a center line spacing to diameter ratio of 1.33. 
Five of the tubes were instrumented. The remainder of the 


tubes provided a simulated condenser steam flow. Steam was 





generated in a stainless steel tubed heat exchanger and 
flowed horizontally across the tubes. The vacuum in the 
test section was controlled by a direct contact barometric 
condenser downstream of the test condenser. Nitrogen could 
be metered into the steam flow before entering the test 
section to simulate non-condensable gas effects. Cooling 
water temperature was controlled. Fouling was prevented 
by a chromate-type corrosion inhibitor. The maximum steam 
velocity in the test section was approximately 75 feet per 
second. Condensate, heated to within 1° to 2° F of the 
steam temperature, could be pumped to three tubes in the 
top of the tube bundle to provide spray (inundation simulatia 
for deep tleoding etteces. | 

Based on his experimental results, Eissenberg concluded | 
that the roped tube was 1.9 times as effective as the plain 
tube and that the convective film resistance was reduced. 
However, the condensate film resistance did not appear to 
change from €hat of sagsmooth Eubesi jez ue 

There appears, therefore, to be some uncertainty attached 
to condensate side enhancement based on the previous two 
works cited here. Further research by both of the above 
investigators tended to verify each initial contention 


[22,24,25]. It was stated by Eissenberg that additional 
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development of tube geometry would probably be needed after 
such parameters as fouling were quantified. At Oakridge 
this indicated that there was doubt that the tube geometry 
had been optimized [9]. 

Experimentation with the primary emphasis on marine 
condensers has been very sparse. Two of the very few to 
do research in this area were Catchpole and Drew of the 
British Ministry of Defense. They performed a multitube 
evaluation on a condenser which had two tube banks arranged 
in five rows with a triangular pitch. The tubes, called 
Kydensa (Figure 4), were manufactured by Imperial Metal 
Industries Ltd. The system had the capability of simulating 
deep inundation by pumping condensate through a perforated 
tube at the top of the condenser. The results showed an 
overall increase in heat transfer for the Kydensa over the 
plain tube under similar conditions. 

Within the open literature, this author can find no 
indication that the optimum tube geometry has been found. 
Experimentation by Taborek, under the auspices of Heat 
Transfer Research Incorporated (HTRI), indicated that overall 
heat transfer coefficients for steam had been doubled by the 
use of a Turbotec spirally grooved tube over that of a plain 
tube [26], see Figure 5. The geometries of the various 
tubes are quite different, as can be seen in Figures 2, 3, 


4, and 5. 


AG 


) 
| 
Several explanations for the improvement in the spirally | 

grooved, corrugated, or roped tubes have been suggested. 
The convective film heat transfer coefficient has been 
shown to increase with both groove depth and groove 
frequency [27]. Increasing these parameters increases the 
turbulence and therefore the mixing. In conjunction with 
the increased turbulence there is also a reduction in the 
thickness of the laminar-sub-layer. These factors serve 
to increase the convective film heat transfer coefficient. 
The hypothesis put forth to explain the improvement, if any, 
in the condensate film heat transfer coefficient appears 
logical and well founded. Improvement was noted with 
increased groove frequency and groove depth. The heat 
transfer over the convex portions of the tube is evidently 


increased by a thinner condensate film, while the thicker 





condensate film in the concave portions of the tube promote 
more rapid drainage, or departure, of the condensate. The 


increases in condensate film heat transfer coefficiene vere 


a 


shown to be limited as groove depth was increased, see 


Bi gur emo s This was apparently due to the increased thicknes 
of the condensate film in the concave portions of the tube, 


| 
offsetting the increase in heat transfer due to film thinnine 


on the convex portions of the tube [27]. Tube number three 
(III) of Figure 2 yielded the best results for Withers and 
Young. The trend of data presented by Withers and Young 


Shows that as both the groove height and groove frequency 
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were increased beyond those of tube number III the overall 
heat transfer coefficients decreased [22]. This supported 

the work of Catchpole and Drew [27], that there are limitations 
in shellside improvement with increased groove depth and 
groove frequency. The graphic presentation of Figure 7 
indicates that the convection film heat transfer coefficient 
increased more than the condensate film heat transfer 


eeerricient. 


E. SUMMATION 

In summation of the literature reviewed, it is evident 
that only the first steps have been taken in the determination 
of an optimum tube geometry for enhanced heat transfer. It 
is further evident that more experimental research on marine 
condenser heat transfer enhancement possibilities is justified. 
Once an optimum corrugation geometry has been developed, 
or a new permanent type of dropwise promoter has been 
developed, the Navy's interest in new and innovative condenser 
designs requires the testing of such tubes in a variety of 
steam flow conditions to provide the data base for realistic 
application. Furthermore, there is no evidence that dropwise 
promotion of geometrically enhanced tubes or combined 
techniques has been investigated. The tube geometry 
optimization process will have to be reinvestigated if the 
shellside coefficient is altered by promoting dropwise 


condensation. 


Zo 


Ti. DESTICN  PROP@sss 


A. EXPERIMENTATION AREAS 


Based on the foregoing review, it was ascertained that 


there are approximately ten areas where clarification or 


additional experimentation is needed. They are: 


thd 


An experimental condenser should be built which 
has the flexibility of being changed to accommodate 
various tube spacing to diameter, S/D, ratios. It 
is believed that varying this parameter can affect 
the heat transfer [6]. 

Data is needed which shows the results of steam 
velocity changes. 

It is necessary to compare the various tube 
geometries and/or materials under very nearly 
identical test cond2 tions: 

Data should be obtained with the condenser slowly 
oscillating to simulate ship roll. 

More data 1S required on the condensation heat 
transfer coefficients, for a variety of corrugated 
tubes. 

Extended tests are needed on promoter coatings for 
possible dropwise condensation applications. 

There should be experimental research conducted in 
combined enhancement; for example, apply various 
promoter coatings on corrugated tubes or internally 


finned tubes. 
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Or 


Data is needed with different orientation of steam 
flow. In cramped spaces it could be desirable to 
position the condenser other than suspended below the 
turbine as is traditionally done. Computer aided 
design codes could investigate many possibilities if 
the data were available to use them with confidence. 
More data is needed on non-condensable gas concentra- 
tion and inundation effects on the steam condensation 
process. 

Lastly, more data is needed on the fouling factors, 
both biological and mechanical. This is a serious 
unknown quantity in the area of corrugated tubes in 
the ocean cooling water marine system, especially 


with titanium tubes. 


Eo buGcarVES OF THIS DESIGN 


Maecewteneareas, for additional research, define this 


design problem. After consideration of the problem and 


Several iterations on the initial design synthesis, the 


following list of objectives was decided upon. 


To design a test condenser with the following features: 


ie 


Variable steam flowrates, 
Variable cooling water flowrates, 


Variable cooling water temperatures (heating only, 
iMeseially), 


Variable vacuum pressures (controlled by controlling 
alr ejectors), 


Variable non-condensable gas concentrations, 


Variable steam flow orientation (tilt condenser), 


ou 


Loe 


GC. CAPABILITIES OCF THE. tern ry 
When the objectives are completed, the test facility will| 


have the capability of: 


ee 


Variable inundation effects (using condensate spray) 


Variable periodic motion (capability to simulate 
ship's: relly 


Adequate visibility to observe the modes of 
condensation, and 


Relatively easy exchange of a variety of test tubes. 


Testing single tubes in both the dropwise and 
filmwise modes to ascertain the outside and inside 
heat transfer coefficients under varying steam 
velocity conditions and varying cooling water flow- 
rates, 






Performing #1 in a variety of steam flow orientation 


(0-180 degrees) relative to gravitational force, , 


Performing #1 and/or #2 while studying the effects 
of inundation and/or non-condensable gas concentrati: 


Performing #1 and any combination of #2 and/or #3 
while oscillating the tubes to simulate ship's roll, 


Testing multiple tubes (up to nine 5/8" tubes in 
vertical rows) in any of the operations mentioned 
above. 





BZ 


iii. DESIGN DESCRIPTION 


eee DLSCUSSION 

In any design effort there are design phases or processes 
which are undertaken. In this project, the areas of creative 
design synthesis, preliminary design and development, 
detailed design, and prototype building were performed. 

See Figure 8. 

The basic system and the test condenser were conceptualized 
in the creative design synthesis phase of design. In the 
preliminary design the basic dimensions, general layout and 
Capabilities were agreed upon. The actual components to be 
used were chosen in the detailed design phase,and the proto- 
type was built as materials, time, manpower, and money became 
available. 

The myriad of variables in the condensation process 
complicated the process of deciding upon a rational design. 
Often the optimum component, from the standpoint of meeting 
the test objective,was found to be impractical or prohibitively 
expensive. Initially, funding was not to play an important 
part in the design alternatives. It was desired to engineer 
the system to meet the design objectives in the best way 
known to the designer. However funding quickly became 
the lead designer. Even in light of this, care 
was taken to insure that all components were chosen 


to allow for expanding the research and the facility's 


oe 


capabilities. Due to time constraints, the "off-the-shelf" 
or readily available item was often used even when a more 
appropriate component could possibly have been built. 

1. Brief System Overview 

To understand the test facility 1t is perhaps best 
to follow an element of fluid through the entire cycle, 
beginning at the boiler. The five systems comprising the 
overall test facility are schematically represented in 
Figures 9 through 13, and photographs of the varweme 
components are inciuded in Figures 14 through 38. 

The boiler generates steam, which exits through a 
throttling valve. The throttling valve maintains a positive 
boiler pressure. The steam is then filtered prior to 
entering the stainless steel piping enroute to the test 
section. While enroute, the flow rate 1S measured by an 
Ellison Annubar, primary flow element. From there,the 
steam passes through a 3 foot long section of Commmgeees 
tubing. The corrugated sections, both upstream and down- 
stream of the test condenser, are installed to allow for 
dynamic tests. Next, the steam passes an inline, direct 
contact desuperheater, which may be necessary to reduce the 
steam temperature to saturation. The steam then enters the 
test condenser where the installed back pressure screen and 
Flow straightener insure that the steam is evenly distribute 
across the test section. Here the quality, temperature and 
pressure are recorded. The remaining steam proceeds to the 


secondary condenser. The condensate meanwhile flows down to 
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expanded section of pipe where it is stopped by a solenoid 
valve and collected, and the volume is measured. At the conclusion 
of the volume measurement, the condensate is released as 

the solenoid valve is opened. The condensate flows to the 
secondary condenser hot well where it mixes with the condensate 
from the secondary condenser. The condensate is then pumped to 

the feed tank. Here it is periodically pumped into the 
boiler to replenish the water supply and complete the 


cycle. 


BeeeDE SCRIPTION OF COMPONENTS 
i 2 Joo COmpOnencs 
a. Boiler 
The steam generator, or boiler (See Figures 9 
and 14.), available for this project, is a Fulton Electric 
Boiler, Model 4.2, which has the following capabilities: 
Power Rating: 4.2 HP (42KW), 
Steam Production: 141 lbm/hr (at saturated conditions), and 
Maximum Pressure: 150 psi. 
It has three electric heating elements installed in a 20 gallon 
capacity tank. Its overall dimensions are approximately 
30 inches high, 30 inches deep, and 27 inches wide. 
The ability to produce only approximately 140 lbm/hr 
of steam placed a constraint on the test condenser size in 
order to achieve a desired steam velocity of 100 ft/sec. 
It was decided to accept temporarily the reduction in vapor 


velocity and maximize the efforts to meet the other 


SD 


objectives. Of present concern is whether or not the 
boiler exit conditions will fluctuate too much to permit 
Stable conditions in the test condenser. Fluctuations will 
possibly be caused by intermittent injection of feed water 
into the boiler. The recovery time of the boiler is unknowr 
Tests will be conducted after system activation. In the 
event that boiler fluctuations are too large,a provision 
has been made to supply house steam, which is available at 
up to 80 psi. to the system. The complete details of the 
boiler operation are found in the manufacturer's instructic) 
book a2 oie 
| The boiler is constructed of carbon steel. 
Although it would have been desirable to have a stainless 
steel boiler to minimize system contamination, the severe 
increase in cost was not justifiable for initial tests. Wit 
a filter installed (Johnson, Type S, Steam Separator), the 
effect of contamination on filmwise condensation at the test 
section is considered minimal. When dropwise condensation 
tests are undertaken, it may be necessary to have a complete! 
Stainless steel system. 
b. Test Condenser 

The test condenser is a completely unique desigr 
Figures. 15, 16 and 17), although many features were dictated 
by the decision to use the available boiler with 140 lbm/hr 
steam supply. The test condenser consists of a stainless 


steel rectangular box approximately 35 inches high, 3 inches 
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wide, and 3 feet long. The diverging entrance region, also 
of stainless steel, contains steam baffles which are to be 
used for condensate collection when the condenser is tilted 
more than 90° from the vertical. The bottom of the main 
section is slanted to facilitate condensate collection while 
in the upright position. The heart of the test condenser 

is the tubed section (See Figures 18 and 19.), which is pre- 
ceded by a flow straightener also of stainless steel. The 
jmyoea Section, in the initial configuration, has constant 
flow area between all tubes and the condenser walls for 
consistent flow simulation. There are windows on both sides 
to allow viewing of the condensing process. Tubes with 5/8 
inch outside diameter may be changed without changing the 
tube sheet. If other diameter tubes are to be tested, the 
tube sheets must be modified. 

There were numerous decisions to be made as the 
design proceeded. The following parameters were among those 
first considered: 

1) The length of tube within the condenser to 
establish a fully developed temperature 
profile and hydrodynamic entrance length 
in the cooling water. 

2) The length of tube between the tube supports 
in a Naval condenser. 

3) The tube spacing (pitch) in a Naval condenser. 


4) The pressure/temperature in a Marine Condenser. 


Su) 


5) The cross sectional flow area to determine 
vapor velocity. 

6) The creative design synthesis. 

7) The detailed design. 
An examination of each of these parameters was conducted and | 
is outlined below. 

(1) Tube Length. In order for the data to reflq 
accurately the heat transfer characteristics, the tube lengt 
to be tested was selected to insure fully developed temperaty 
and hydrodynamic profiles. As defined by Sparrow [29], 
the thermal entrance length is the tube length required to 
obtain a local Nusselt number (Nu) within five percent of th 
fully developed flow Nusselt number (Nu_). It wacom 
by examination of a plot of the ratio Nu/Nu, versus x7/D 
(distance/Diameter), parametric in Reynolds Number, that the 
effect of Reynolds Number is small; see Figure 20 [29]. 

Using the parameters in a marine condenser 

and those anticipated in this test facility, Reynolds number 
of approximately 40,000 and a Prandtl number of approximatel 
7 were calculated. To be within five percent of a fully 
developed Nusselt number required that Nu/Nu, < 120s 
Analytical results for entrance length, expressed as a 
ratio, x/D, ranged from 2 to 4 for Pr = 10. Experimental 
results by Hartman indicated that x/D=3 for Pr=7-8. This 
is displayed in tabular form in Figure 21 [29]. The 


developed thermal profile was, therefore, not a design 
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constraint as the tube length required by an entry length 
gue, = 5 18 2.64 inches for a 5/8 inch tube size. 
Hydrodynamic entrance length for fully developed flow is 
considered to require approximately 50 diameters of length 
[30]. Due to the length of the piping leading to the test 
condenser, this was not a serious constraint. 

(2) Distance between tube supports. The next 
possible constraint was the distance between tube supports 
in a Naval condenser. According to the Military Specifica- 
tion which governs the construction of Naval condensers, the 
tube support plates are not to be over three feet apart [3l]. 
Also, an examination of the working plans of three different 
Ships revealed a maximum of three feet between tube support 
sheets. Thus, the working length of the test condenser tubes 
for this design was set at three feet. 

(Seeelube spacing. The initial test configuration 
depicted in Figure 18 clearly shows the consistent flow 
area between tubes. The window frame forms part of the 
geometry to make the flow area consistent. Only the central 
tube is to be instrumented in this configuration. 

Tube spacing (pitch) was desired to conform, 
as nearly as practicable, to that used in an actual marine 
condenser. Various researchers have used values of S/D 
(Spacing/Diameter) from 0.875 to 1.33. However, upon 
examination of the condensers used in seven different ships, 
an average value of 1.5 for S/D with equilateral triangular 


pitch was decided upon. Within those condensers examined, 
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the S/D ratio changed depending upon what area of the 
condenser was considered. No attempt to duplicate this is 
expected to be undertaken in this research. But, by merely 
changing the easily removable tube sheet of the final desig, 
the pitch and number of tubes can be changed. 

(4) Pressure and temperature in a marine 
condenser. Pressures and temperatures in a naval condenser 
vary with each group of operators. Vacuum pressures 
vary from approximately 25 to 28 inches of Mercury in a 
variety of shipboard main condensers, with saturation 
temperatures from approximately 133 °F to 101 °F. MThereforg) 
in the design calculations, 2.0 psia and 127.07 °F were 
selected as operating conditions. 

(5) Vapor velocity. Having decidedus@ecm 
reasonable facsimile of the naval condenser, steam flow cal:, 
culations yielded a maximum steam velocity in the fest con-' 
denser of approximately 43 ft/sec. The desired vapor velocityw 


100 ft/sec; therefore, it was considered pertinent to 





examine the possibility of increasing the system capability. 
Should this be desired a steam supply of 324 lbm/hr would 
be required (See Appendix A.). 

(6) Creative design synthesis. During the 
creative design synthesis phase of the test condenser desigr,| 
each of the thesis objectives was considered. Notable amonc 


these were: 
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Design objective #6 - Variable steam flow orientation 
(tilt condenser) 


Design objective #7 - Variable condensate inundation 
(recycle condensate) 


Design objective #8 - Variable periodic motion 
(simhate Shiro" s Fol] ) 


Design objective #9 - Adequate visibility to observe 
the condensation process 


Design objective #10 - Relatively easy change of a 
variety of tubes. 


Deciiocumo icc rl ve number Six Gequires 


consideration of a multitude of problems. The first problem 
is that of inventing a method of rotating the condenser 

about the centerline of the tube being tested to a new 
PesitloOn and then re-establishing the vacuum tight integrity 
of the system. This is accomplished with the use of Marman 
Flexmaster pipe joints (See Figure 22.) By loosening one 

end of the Flexmaster pipe joint at the ends of the main 
steam piping and, of course, the restraining mechanism at 
either end of the test condenser, the test condenser may be 
rotated as desired (See Figure 17.). Alternate condensate 
collection has to be provided after rotating the test 
condenser past the 90° position. This is done by having 

the baffles in the steam vapor entrance region serve as 
condensate collection vanes as well as steam baffles. 

Framing for the test condenser will be designed to support ade- 
quately the test condenser during testing in conjunction with 
design objectives number eight and number six. This has been 


deferred until a later stage of testing. 
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Design objective number seven encompasses 


two unknowns. The first is the question of true flow chara- 
terization of the condensate. The.second is how to best 
supply the condensate to simulate deep tube inundation or 
Flooding. It was decided that observation with the aid of 
high speed photography 1s going to be necessary to charac- 
terize the inundation. To accomplish this an inundation 
system will be installed in the "dummy tubes" above the 
"test tube" in a later stage of the testing. Then, with 
the use of high speed photography the condensation process 
can be analyzed, and the effect of condensate inundation on 
the heat transfer process can be realistically characterize. 
Another consideration in the inundation studies is how many 
tubes deep the tube bank should be made. It was concluded, 
as a result of the literature search, that most of the 
previous researchers used vertical rows of tubes less than 
nine deep in their test condensers. This means that the 
test condenser has to be at least 13.62 inches deep to 
accommodate a vertical row of nine tubes, each with a 5/8 
inch diameter (Figure 12). 

Design objective eight necessitates Cconsides 
the effect a rocking motion will have upon the various 
connections of the test condenser. In preparation for this. 
fFlexible/corrugated tubing was selected for all connections 
The most promising method of rocking the condenser is 
considered to be a hydraulic system, yet to be designed 


but schematically shown in Figure 17. 
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Design objective number nine is incorporated 


to allow three advantages. They are: 
1. Operator/Researcher visibility, 
2. Camera Access, and 
3. Lighting ease for photography. 
The choice is whether to use glass on one or both sides. 
Advantage three, lighting ease, makes the option for glass 
on both sides most attractive. 
Design objective number ten requires that 
a complete redesign of the test condenser not be necessary 
to change the number of tubes, tube size, or type pitch. 
mae Only logical choice is to peeote eee tube sheet for 
major changes using a type of through sealing device, for 
quick changes of small numbers of key tubes. (Figure 23). 
The choice of construction material is 
dictated by a requirement that a clean system must be 
obtained to minimize the unpredictable variables such as 
corrosion, fouling, and outgassing of the metal in a vacuum 
environment. This is desirable for filmwise condensation 
tests and may be a necessity for dropwise condensation 
tests. Therefore, due to availability, ease of manufacture, 
and cost, stainless steel type 304 was chosen over other 
acceptable metals such as titanium and stainless steel 
mye 316. 
(7) Detailed design. The detailed design of 
the test condenser involved careful consideration of the 


following areas: 
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1. Stresses on the test condenser, 

2. Stress on the glass, 

3. Thermal stress, 

4. Fastener (bolt/stud) selection, 

5. Tube sheets, 

6. Pipe size, 

7. Test condenser overpressure, 

8. Steam velocity in the entrance region, 

9. Flexible connectors for dynamic testing, and 

10. Flow straightener and backpressure screen. 
Each of these is considered in Appendix B. 
Cc. Secondary Condenser 
The concept of using a secondary condenser has 

several advantages. It is believed that conditions will 
be more stable in the test condenser if only a controlled 
amount of the steam generated is drawn through the test 
condenser. This approach allows a high steam generation 
rate, thereby minimizing fluctuations inthe boiler. It 
also provides a method of operation and/or warm-up while 
bypassing the test condenser. Therefore, the secondary conda 
was designed to accommodate the maximum amount of steam 
the boiler could generate. A model 9-14S Heliflow heat 
exchanger made by Graham Manufacturing Co., Inc., was 
available (See Figure 26.). Utilizing the Design Data 
sheet procedure outlined in Appendix C [4], it is deemed 
feasible to use the Heliflow for the presently inswameeed 


boiler capability. By installing the heat exchanger with 
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the openings facing downward and the condensing, steam side 
being the inside of the tubes, the Heliflow becomes a 
condenser. 
2. Auxiliary Systems and Components 
a. Desuperheater 

The steam 1s expected to flash in passing through 
the throttle valves and perhaps upon expansion when entering 
the test section. To reduce superheat, an inline desuper- 
heater is to be installed at the entrance to the test 
condenser, which spray mixes condensate, at the saturation 
temperature from the secondary condenser hot well, with the 
entering steam. This will lower the temperature of the 
steam to the saturation temperature desired for the test. 

b. Condensate Collection System 

The condensate collection system, Figure 10, 
utilizes stainless steel tube or pipe to connect the two 
condensers with their respective hot wells. The hot wells 
are connected by stainless steel tubing and a solenoid 
operated valve. The condensate is pumped to the feed 
system from the secondary condenser hot well. 

The condensate collection system is designed 
mopextorm two functions. First, it provides a means of 
measuring the condensate obtained from the test condenser. 
Second, it provides for the return of the condensate to the 
feed system. To accomplish this, two hot wells are required, 
one for each condenser. The one for the test condenser will 


be sized according to the amount of condensate expected to 
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condense in the test section. The other one provides a 
drain for the test condenser hot well, collects condensate 
from the secondary condenser, and provides a positive head 
for the condensate pump. The computation for the minimum 
size of the secondary condenser hot well is relatively 
Straightforward. It is believed that it should hold at 
least two minutes of condensate or 9 lbm, at full power 
operation of 170 lbm/hr. The value of 170 15dm/migee ee 
arbitrarily selected to allow approximately a twenty percen 
greater capacity than would be actually needed. Since 9 1b 
of water occupies about one gallon, a tank which few ee 
gallons has been constructed for this hot well. To preclud 
the possibility of cavitation at the condensate pump inlet,, 
1t was decided to position the pump as far as possible belo 
the test condenser hot well. 

The condensate pump selected, once again becaus: 
of availability, was a Teel, model 1P700, stainless steel 
centrifugal pump made by the Dayton Electric Manufacturing 
Company (Figure 25). Its output for a head of 4.5 feet is 
approximately 19.6 GPM. Since 140 lbm steam/hr. equals 
16.78 gallons of condensate/hr., the pump is quite adequate 
A recirculation line between the pump discharge and the 
secondary condenser hot well provides for pump cooling. 

The hot well for condensate collection from the 
test condenser is designed for measurement of the condensat 
from the initial configuration test condenser. To accomp1ii 


this, the expected amount of condensate is determined, in 
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meeenat DD, co be approximately 0.60 gal/hr. It is desired 
to determine the condensation rate in a short period of 

time — less than one minute. This means a container with a 
volume of at least 0.010 gal. Since two methods of measure- 
ment are desired, this hot well is to be made of glass and 
graduated to provide a visual backup reading. Therefore, 

a cylinder with a capacity of 5 cubic inches, graduated in 
inches, and rated for vacuum application is suggested for 
this application. 

A solenoid valve is positioned between the test 
condenser hot well and the secondary condenser hot well (See 
Figure 26.). To take a measurement, the solenoid valve is 
closed, and the rate of condensate collection is measured 
electronically (Additional information is presented in the 
section on Measurement and Control.). The condensate pump 
is run constantly when the system is on but only delivers 
condensate to the feed system when the float valve in the 
feed tank opens, indicating a need in the feed system for 
more water. 

c. Cooling Water System 

The cooling water system (See Figure ll.) 
consists of two pipe branches from a 1-1/2 inch main line. 
One branch goes to the secondary condenser, and the other 
goes to the test condenser. The flow is controlled in each 
Eamon yechirotelLing valves. The cooling water to the test 
condenser is temperature regulated by controlled heating. 


The piping throughout the cooling water system is galvanized 
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iron. The pipe to the secondary condenser is 1-1/2 inch 
diameter which is reduced to 1-1/4 inch diameter to conform 
with the secondary condenser fittings. The pipe to the 
test condenser is 3/4inch diameter. The maximum flow to 
the secondary condenser is calculated in Appendix E to be 
34.43 GPM. For the test condenser with a maximum cooling 
water velocity of 26 feet per second, the necessary 
flowrate would be approximately 18 GPM. Therefore, the 
total flow for the system is conceivably 52 GPM. However, 
on the basis of condensing calculations (Appendix C), it 

1s determined that approximately 27 GPM is the most require: 
by the secondary condenser. The total would then bewnearlys 
45 GPM at maximum capacity. For the early experimentation, , 
only 33.19 GPM are computed to be needed. Plans to cool 
and recycle the cooling water are not completed due to the 
excesSive cost of such a venture. However, for long term 
operation of this facility, a small cooling tower or large 
reservoir could be used to cool the cooling water. 

To control the temperature and the flowrate of 
the cooling water to the test condenser requires three 
steps (See Figure 27.). The first step is to heat the 
cooling water to a predetermined temperature and to maintail 
that temperature. The second is to provide a pump in the 
system to boost the line pressure to allow for higher coolly 
water velocity. The third is the regulation of the water 
pressure to reduce the line fluctuations to an acceptable 


level. For temperature control, two alternatives are availab:) 
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1. Electrically heat the water, or 
2. Steam heat the water. 
Commercial heat exchanger units are available, such as the 
Leslie Constantemp, Johnson Cor-Tube Steam water heater, Bell 
and Gossett "SU" heat exchangers, or Watlow electric heaters, 
to name a few. The choice was, once again, controlled by 
what was most readily available. House steam was available; 
therefore, steam heating was chosen. A Bell and Gossett 
Type Su 42-2 heat exchanger was available which far exceeds 
the necessary heating capability. The resultant unit 
consists of a Powers model 11lA self-actuating temperature 
megibating valve with a range from 55 °F to 115 °F. This 
valve is installed in the steam inlet line to the Bell and 
Gossett heat exchanger. The temperature sensing bulb 
(temperature regulating valve actuator) is installed in a 
locally manufactured surge tank (See Figure 27.). The 
cooling water is routed through the heat exchanger and then 
through the surge tank to a booster pump which supplies 
water to the test section as well as circulation in the 
Surge tank for mixing. A backpressure regulator and a filter 
are installed in the line to the test condenser to minimize 
contamination and pressure fluctuations. 
d. Boiler Feed System 

The feed system is a Fulton return system (See 
Figures 12 and 28.) rated for a six to ten horsepower boiler 
and having a 30 gal. capacity. The feed pump 1s a Burks 


pump, model SCT5M serial number 17888. The condensate is 
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returned to the feed system via a float operated valve. 
The Burks pump is intermittently operated when the boiler 
liquid level sensors indicate the boiler needs water. This 
system is constructed of galvanized iron pipe with carbon 
steel tanks. It may be necessary to replace it with a 
stainless steel system when dropwise studies are undertaker 
The low level sensor turns on the feed pump, and the high 
level sensor switches the feed pump off. As the water leve. 
decreases in the feed tank, the float valve opens allowing 
the condensate to enter from the secondary condenser hot 
well via the condensate pump. 

e. Vacuum system 

The system vacuum pressure in the test and seco 
condensers is maintained by a two stage air operated air 
ejector (See Figures 13 and 29.). Vacuum is controlled by 
bleeding air, by means of a Model 16 Fairchild vacuum 
regulator, into the suction of the alr ejector to provide 
a false load. 

Non-condensable gases have been proven to be 
very detrimental to the condensing process. Also, naval/ 
marine condensers operate in a vacuum for increased plant 
efficiency. Non-condensable gases collect at the peaneges 
lowest pressure. Therefore, the maintenance of a vacuum an 


the removal of non-condensables are interrelated. To 





accomplish these ends a two stage non-condensing air operates 
air ejector was procured from the Graham Manufacturing 


Company. The motive air required is 43 SCFM at 100 psig. 
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The volume to be evacuated was estimated to be less than 
4 ft.2 . The calculated time for the Graham air ejector 
to evacuate this volume to 25.5 inches of Mercury vacuum is 


approximately 45 seconds. 


C. UNCERTAINTY ANALYSIS 
In the design of an experiment, two questions which must 
be answered are: 


1. What is the desired accuracy of the 
quantities to be measured? 


2. Can the needed quantities be measured 
to the desired accuracy? 


In some applications these questions are academic and, the 
best measurement devices are, by definition, those readily 
available. However, in this situation, the critical measure- 
ments most affecting the results must be known to determine 
where to place the monetary emphasis. For example, the 

range of cost for the steam flow measurement is from $50. 

to $2,000. Therefore, an uncertainty analysis is 

determined prudent in order to make rational purchase 
decisions. To analyze the problem, the "Second Order 
Equation" described by Kline and McClintock [32] is used. 


The details of the uncertainty analysis are in Appendix F. 
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IV. MEASUREMENT AND CONTROL 


A. OPERATIONAL MEASUREMENT 

The area of operational measurement encompasses those 
measurements enabling the operator to run the system safely 
These measurements (See Figure 30.), designated to be used 
only by the operator, are independent of those needed for 
test measurement. 

Generally, all temperature measurement for operations 
only is to be accomplished by the use of locally manufactui: 
copper-constantan thermocouples. This type of thermocouple 
was chosen because it has the desired temperature range 
between -300 and +700 °F and is resistant to corrosion in 
most atmospheres [33]. There are no temperatures in this 
system which are expected to approach these limits. The 
following temperatures are planned to be measured: 

1. Steam at the boiler exit, 

2. Steam at the test condenser inlet, 

3. Steam at the secondary condenser inlet, 

4. Condensate at the secondary condenser hot well, 

5. Condensate pump casing, 

6. Feed pump casing, 

7. Cooling water pump casing, 

8. Feed water at the boiler inlet, 

9. Cooling water at the secondary condenser inlet, and. 


10. Cooling water at the secondary condenser outlet. 


ae 


All but one of these thermocouples are to be connected to 
the display unit, a Newport digital pyrometer model 267. 
The boiler temperature is to be displayed for constant 
monitoring on an Omega, Series "S", indicating pyrometer. 

There are three pressures to be monitored continuously. 
They are: 

1. Boiler pressure, 

2. Secondary condenser pressure, and 

3. Test condenser pressure. 

The boiler pressure is registered on an Ashcroft 0-100 psig 
pressure gauge. The condenser pressures are indicated on 
two Wallace and Tiernan 0-30 psia absolute pressure gauges. 
These gauges are all locally available. 

The cooling water flowrates in both condensers are 
designed to be monitored continuously with the use of 
rotameters. Recall that the calculated flowrates for the 
initial configuration of the test condenser are approximately 
27 GPM for the secondary condenser and 10 GPM for the test 
condenser. The flowrate monitoring for the secondary condenser 
is not considered critical, and therefore an available Fisher 
mE>Orter ROtameter, model 10A2735P, with a capacity of 86 GPM 
is used. The test condenser cooling water flowrate is 
monitored with an available Fisher & Porter Rotameter, model 
moss oe 5A GPM Capacity). In addition, the operator has 


an installed boiler water low level alarm. 
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Baw CONLROE 





The entire electrical power to the control panel is wir 
through a key operated circuit breaker and a master switch. 
The master switch permits rapid shutdown of the system for 
any safety problem. The boiler controls consist of: 

1.) An ON/ OPS = swatten 

2. Two Honeywell Pressuretrols, 

3. Heating element thermostats, 

4. A steam throttling valve, and 

5. A feed water flow valve. 

The Pressuretrols are for high limit pressure control, 
operating pressure and operating pressure differential. 

The steam flow is designed to be controlled by two valv 
one to control steam flow through the test condenser and on 
to control the flow through the bypass directly to the secor 
condenser. Steam temperature is regulated by contEroPi=ngiaas 
valve in the condensate line to the desuperheater. 

Cooling water flow controls and the vacuum pressure 
controls have been described earlier. Additionally there 


are ON/OFF swtiches to control all pumps. 


C. TEST MEASUREMENTS (See "Figure ws.) 

For test data collection, the following quantities are 
to be measured: 

lL. Vapor temperature in the test condenser, 

2. Cooling water flow rate to the test condenser, 


3. Temperature of the cooling water into the test 
condenser, 
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4, Temperature of the cooling water out of the test 
condenser, 


5. Temperature of the "test tube" wall, 
6. Steam flowrate, 
7. Steam quality, 
8. Vacuum pressure in the test condenser, 
9. Cooling water pressure drop, and 
10. Condensation rate in the test condenser. 
For the data collection temperature measurements, 
copper-constantan thermocouples with grounded junctions, 
in 1/16 inch diameter type 304 stainless steel sheaths, are 
to be used. This choice was made because they are easily 
obtainable, and they operate in the desired temperature range. 
The grounded junction offers a faster response than other 
types of shielded junctions. Copper-constantan extension wire and 
an Omega 28 pole thermocouple selector switch are also 
being used to insure agers readings on a Newport model 267 
digital pyrometer. 
The cooling water flowrate can be measured by using: 
1. A rotameter, and 
2. A turbine flowmeter. 
The rotameter was discussed in the section on operational 
measurements. The turbine flowmeter is available locally 
and is encased in plexiglass for observation. 
The pickup for the turbine flowmeter is an Electroproducts 
Maomnetiwemeype pickup, model 3010 HTB. The display chosen 
is a Fluke digital frequency counter, model 1950A, calibrated 


to read mass flowrate directly. 
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There are several choices to consider for the steam 
flowrate measurement. These are listed below: 

1. An ITT Barton, series 7000, precision turbine flowe 

2. An Eastech V/C, 3000 series Vortex cell flow transi 

3. A venturi meter, 

4. A pitot-static tube, 

5. A hot wire anemometer, 

6. An Ellison Annubar, co 

7. An Ofitveeyotate. 
Saturated, steam flowrate is inherently difficult to measures. 
Pitot static tubes and hot wire anemometry are noted as 
being inaccurate with change of phase. The venturi meter 
is difficult to calibrate and would have to be manufacturei 
locally, incurring a time delay. The Barton tupbanewave.. 
meter and the Eastech Vortex shedding meter are simply too. 
expensive to consider. The resultant choice is the Ellisom 
Annubar (See Figure 32.). | 

The Annubar, a primary flow element, is named after a 
method of self-averaging the annular segments within the 
Pipe. Calculations for the pressure head developed in the 
Annubar are found in Appendix G. The output of the Annubar 
is sensed by a Celesco KP15 pressure transducer. This signi 
1s then fed to a Celesco Carrier demodulator, model CD1LO, 
and from there to a Hewlett-Packard, model 3430A, digital 


voltmeter for readout. The HP 3430A was chosen because it. 
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an analog output which is compatible with an Autodata-Nine 
data acquisition system manufactured by Vidar Autodata, 

Inc. To improve the accuracy of the Annubar, it is to be 
positioned with 7 diameters upstream to a tee and 23 diameters 
downstream to the control valve. These values include the 
manufacturer's recommended distances and a twenty-five 

percent increase for laboratory work. 

Steam quality measurement poses a unique problem. The 
only method readily available at an acceptable cost is the 
throttling calorimeter. The use of the calorimeter is 
Meteeaitricult in a positive gage pressure application. The 
principal of the calorimeter is based on the fact that 
enthalpy is constant in a throttling process. By knowing 
the temperature before and after throttling, the enthalpies 


can be found and the quality calculated as follows [34]: 


[eel 

x.= = x lo , (3) 

fg 
where: x = steam quality (expressed as a percentage), 

h, = enthalpy of superheated steam at 
calorimeter pressure and temperature, 

i- = enthalpy of saturated liquid in mixture 
PistcreeOmEIMOtel ing, and 

Ae = enthalpy of vaporization corresponding 

J to pressure or temperature of steam 


entering calorimeter. 


Giemaronlem 1s to Emrottle from the vacuum in the test 


condenser to a lower pressure in one of two ways as follows: 


1. Throttle to the secondary condenser if sufficient 
vacuum differential exists between the test and 
secondary condensers, or 


2. Throttle to a lower pressure provided by a 
mechanical vacuum pump through a cold trap [35]. 


Tests will have to be made, after the system is activated, 
to determine the best course of action. 

Vacuum in the test condenser will be measured in two 
ways uSing: 

1. A standard mercury manometer, and 

2. An absolute pressure transducer. 
The pressure transducer is a Celesco model PLC absolute 


pressure transducer with a range from 0 to 15 psia. The 





output from this transducer will go to a strain gage amplif} 
and then to a Hewlett-Packard model 3430A digital voltmeter] 
The cooling water pressure drop across the test condenser i. 
to be measured directly with a differential pressure 
manometer with static taps. 

The condensation rate is to be measured with the use of 
a locally manufactured liquid level monitor. This monitor 
operates on the principal of variable capacitance of a wire 


immersed in a liquid. 


D. DATA REDUCTION 

The data collection and reduction are schematically 
represented in Figures 33, 34 and 35. During the measures 
ments, the heat transfer rate across the test condenser tube 


will be determined by two independent methods. The heat 


transfer rate in each of these cases is given by 


QO = mo Cae EeT ees) ; and (4) 


(vee on). (3) 


= m 
Q Gond 1 O 


In addition, the heat transfer rate is related to the overall 


heat transfer coefficient by: 
Q = UA, LMTD . (6) 


In the above equations, 


QO = heat transfer rate, 
mM = mass flow rate of the cooling water = PVA, j 
m = mass flow rate of condensate, 
cond 
Mm. = mass flow rate of the steam, 
Ce = specific heat of water at constant pressure, 
ED = temperature of the cooling water at tube exit, 
Tod = temperature of the cooling water at tube entrance, 
Ay = steam vapor enthalpy prior to condensing, 
AG = condensate enthalpy, 
Un = overall heat transfer coefficient, 
A. = area of the steam condensing surface, and 
LMTD = tog mean temperature difference, 
_ (Te = ae) - (To - ae 
rg * 
7 (T Tou 
(T - T_) 
Ss EO 
where a = saturation temperature of the steam. 


a2 


Equations (4), (5), and (6) may be combined to show: 


u = Q = Mee G0 soa! 2 Meond. ‘Pi 7 Bo: 
O Ag (LMTD) As (LMTD) As (LMTD) 


By substituting symbols for m and LMTD, Equation (8) becors 


U = oa Ln s : nea 3 
O A (T -T ) | 
S Ss co | 
where 
V = cooling water velocity and 
Aa cooling water flow area. 


The density 9 and specific heat Cy are functions of compli 
only (See Appendix H.). The procedure outlined in Figure 3 


used to solve for the overall heat transfer coefficient uz 


An empirical equation often used to obtain the Nusselt 
number for turbulent flow in a tube is the Sieder-Tate 


relationship expressed as [8]: 








Nu = its =o Pee eae (u/i,,) a ' ( 
where, 
Nu = Nusselt number, 
h; = convective, or internal, heat transfer coefficit 
ds = tube inside diameter, 
k = thermal conductivityee: ene al urc. 
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C. = empirical coefficient, 


i 

Re = Reynolds number = Ud, /v ; Cie 

Pr = Prandtl number = Cou/k ; (12) 

u =a tcinke VLSCOosity-of the fluid, 

= = dynamic viscosity evaluated at the wall 
temperature, and 

Vv =ECMNemaele ViScoslty of the fluid. 


(All properties other than ae are evaluated 
at the bulk or average temperature.) 


Figure 34 depicts the procedure to obtain the Sieder-Tate 
parameter, which is written [9]: 


Orc 7/3 We aoe (13) 


The expressions for the temperature dependent quantities 


eeu, Up» K, and Co are found in Appendix G. 


W 

The computation of the coefficient, C., May cause 
confusion. The Wilson Plot technique is used to arrive at 
this value. The technique developed byLt. E.E. Wilson, USN, 
in 1915 [36], has been modified by many researchers since 
that time [37]. The procedure as adopted for this study 1s 
as follows (See Figure 35.). First, 


6 8 mi oS se a4 


VS. Re Pr Cu/u,,) 


i 
U W 
O 


1s plotted. The values for this plot are obtained by varying 
only the cooling water velocity and collecting data while 


holding all other parameters nearly constant. The slope of 


oll 


d 
the pl Craers Ke , and this expression is solved to 
a 


obtain C.- The convection heat™transter coetticieme hy 


calculated as follows using the Sieder-Tate relationship: 


_=k OS eeaeell 2 0.14 | 
i a Re Pr (u/u,,) (. 


Lastly, as noted in Figure 35, the condensation heat trans: 


coefficient, Aes 1s calculated as follows [9]: 


Ag =— wy _ R = do e (j 
U W an t 
OQ Te gilt 





This approach to the heat transfer data reduction has beent 
used extensively by many researchers. It is considered 
appropriate to utilize the Autodata-Nine automatic data 
acquisition system to collect the data and provide a eee 
tape record of all data for later use. In additienmae 
Hewlett-Packard model 9830A computer, which is compatible 
with the Auto-data-Nine, is considered an excellent me eer 
for rapid automatic data reduction, although a programmable 
hand calculator, such as the SR52 or the HP65 can also be 


used. 
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V. CONCLUSIONS AND RECOMMENDATIONS 


A. CONCLUSIONS 


A test condenser apparatus having overall dimensions 


of 35 inches in height, 3 feet in length and 3 inches in 


width was designed and constructed of stainless steel. It 


has the following features: 


ibe 


Vi steiner Orma2o ly 4 inches by 2 1/2 inches is 

Pro widecdmeimedchuslac im the initial configuration. 
Volstbpidiey helgqhe, (See Pigures 18 and 19.) can be 
expanded to 4 inches with maximum tube configuration. 
Tipcewen theese anche cubes in the initial configura- 
tion may be changed without removing the tube sheet. 
The maximum configuration of 5/8 inch tubes provides 
for nine tubes in a vertical row. 

Other diameter tubes may be tested by simply 
redesigning the tube sheet. 

Baffles in the entrance section can also serve as 
condensate collection vanes when the condenser is 
tilted to experiment with various steam flow 


directions. 


B. RECOMMENDATIONS 


It is recommended that: 


is 


Experimentation be conducted as outlined in the 


objectives (page 31). 
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Ze 


A frame such as depicted in Figure 17 be designed 
and built to enable the tests involving condeneee 
MOCLON tO, ber conducted. 

The house steam be connected to the steam line 
exiting the boiler since it is considered possible)| 
that an increase in boiler output might be desirabe 
to investigate condensation at higher vapor velociy 
in the test condenser. Further an automatic contr] 
valve be installed at that point to insure a eon ae 
flow rate. 

A high/low water level control circuit be built ani 
installed to control the condensate punpyaoyawaios 
of the secondary condenser hot well water level. 
The combined effects of internal enhancement and 
dropwise enhancement be investigated since no 
literature was found which described experiments 

in this area. For example, a corrugated tube, or 2 
internally finned tube should be coated with teflor 
promoter and tested in the dropwise mode of 
condensation. 

Feasible topics for future thesis work in this areé 
include: 

a. Tests on the effects of fouling in enhanced tuk 
b. Tests on the effects of tube vibration on 


condensation heat transfer. 
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FIGURE 4. Catchpole and Drew's Test Tube (Kydensa). [27] 
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FIGURE 8. Design Flow Diagram. [40] 
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FIGURE 15. Artist's Conception of Test Condenser Body. 
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FIGURE 18. Test Condenser with Initial Tube Configuration. 
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OUGURE 19. 





FIGURE 20. Thermal Entrance Region Nusselt Numbers for 
Turbulent Flow. [29] 
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FIGURE 21. Thermal Bntrance Lengths Based on Nu/Nu_ = 1.0 
[29] . 


85 





86 


Photograph of Marman Flexmaster Couplings. 
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FIGURE 26. Photograph of Test Condenser Hot Well Solenoid 
G@ontrol Valve. 
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Feed System (Fulton Return System). 
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FIGURE 28. 


92 


a vn; 
ae 


vy 2G, : Ry ie 





FIGURE 29. Photograph of Graham Air Operated Air Ejector. 
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FIGURE 30. Photograph of Control and Coerational Section 
of Instrument Panel. 
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FIGURE 31. Photograph of Test Section of instrument ranel. 
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FIGURE 32. Photograph of the Annubar, Primary Fileow=eemaecam 
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FIGURE 38. Photograph of Test Condenser Flow Straightener. 
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eee A= CAECULATION OF STEAM VELOCITY 
Cie et od CONDENSER 


The assumptions made are: 


Vapor Temperature elem, LG 


Vapor Pressure = 2.0 psia, 

Vg = 173.76 ft?/lbm, 

p = 5.16x10 ° lbm/ft?, and 
m =e Oe lom/hr. 


Hemee.ctmine the velocity, the following relationship is 


used: 
m = pvA . (16) 
Rearranging Equation (16) yields: 


a 
V ai pS eye 
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Substituting the numerical values, gives 


(140 lbm/hr) (1 hr/3600 sec) 


(5. 76xlOm- lemee Onis ce omeeeen 


which results in velocity, V = 43.25 ft/sec. Using 
Equation (16), the amount of steam required for a vapor 


velocity of 100 ft/sec is calculated as follows: 
m = oVA 


Substituting numerical values, gives 


5 


m = (5276210% lbm/£t>) (100 Et/sec) (0 stage £t*) (3600 Si 


which yields, 


m = 324 lbm/hr 
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APPEND Sb -eenerreepeteo tl CONDENSER DESIGN 


CALCULATIONS AND CONSIDERATIONS 


The following topics are discussed in the order they 


appear: 


ee 


iO. 


ie 


Stress on the test condenser, 

Stress on the window glass, 

Thermal stresses, 

Fasteners (bolt/stud) selection, 

Tube sheet construction, 

Pipe size, 

Test condenser overpressurization, 

Steam velocity in the entrance region, 
Prowteale Connectors fOr dynamic testing, and 


Flow straightener and backpressure screen. 


Stress on the test condenser. To accommodate the 


condensate collection drains, steam entrance baffles, flow 


straighteners, and window frame flow shaper, an arbitrary 


increase in condenser depth, over that required by the tubes, 


was made (See Figure 18.). The largest expanse of unsup- 


ported plate was then determined to be 12.56 inches by 


36 inches. 


Type 304 stainless steel has the following properties: 


Tensile strength = 85,000 psi [41] 


Mieka Strengten = 35,000 psi [41] 


EOS 


Modulus of EPllasticwey = 265% 10° psi [41], and 
Coefficient of Thermal Expansion 


= 9.6 UW in/in- sp eee? 


The assumptions made are: 
(a) All plate edge supports are fixed, 
(b) The load 1s uniform (15 psi), and 
(c) The safety factomers 0-40" 


The working stress is then found as follows: 


O = SS (—) [f= factor zo. (37 
me = t. safety] 


(35,000) (0.60) — Zi 000 osu 


Consulting Roark's "Formulas for Stress and Strain 
the following procedure 1s derived. 


The length £0 width sation 2s 





= = 2,87, wWhien Ampties Sena 


o| 
re 
NS) 
UN 
OV 


050007 


By 
8. = 0.2500, and 


O 0.02 4. 


The stress at the center of the long edge is given by 


Bab“ 
¢ = 5 : (19) 
t 
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Therefore, 


(20) 








(0.50000) (15 psi) (12.56 in )? 
Sm iO00 psi 


y 






which yields the required thickness to be 0.237 inches. 


The stress at the center of the plate is given by 


2 
3595 
a 


ce 


Q 
I 


and therefore, 


(22) 





and the required thickness is 0.168 inches. 
The maximum deflection at the center of the plate 


Neeret. 25 ine thick plate}jmis given by: 


4 
= gb 23) 


Substituting the values given yields: 


Gamer 2ehkS oss) (ocean 


max y = z 3) 
Cee CO) ost 0225 in} 


or max y = 0.354 inches. Note that the values of a and b 
used for this calculation are for the entire side of the 
test condenser (worst case). 

This result is obviously excessive. Recalculating, 
assuming that the structure is essentially stiff at the 


bottom of the window frame (Figure 36) yields: 


: ; 4 
ae (0.0284) tS secre aGlZ 6 = ) 
(28 x 20 pea n0 225 hae ; 


Ot 


0.024 inches. 


max y 


The upper, or steam entrance section was also investigated 
for strength. The section was assumed to be an isosceles 
triangle with simply supported sides and a uniform load. 
Once again Roark [43] provides the stress relationship 
needed. It is: 


fae =n (25) 


Thererore, 





(0.262 615 psa) GhO si Sree 
Zi, OOCr ecu 





and the required thickness is found to be 0.142 inches. 
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The maximum deflection is calculated as follows: 


4 : 4 
a ae a0 3ec8 ke eet BSI bO.315 =p (27) 
Be GjzcmeeerO pst) (0.25 in ) 
so that 


Gi015 anmehes. 


max y 


From the foregoing, it was concluded that the test condenser 
Should be made of 0.25 inch type 304 stainless steel. 
However, due to the maximum deflection calculations, three 
transverse stiffeners were installed in the lower condensate 
S@isrection area. With these added and the width b = 12.56 


inches, the length to width ratio is 





= = 0.96 which implies that a = 0.0138. 


Then using equation (23), 


| A 
_ agb* POO co Meno s lh 2e Sos in ) 
ae ie Ate |. -6aeG .. ,. 4... .3 ? 
Bit (7omeammee pet) (0.25 in ) 
and the value of max y = 0.012 inches. With the conserva- 


tive safety factor and working pressure assumptions this 
value is found acceptable. 

2. Stress on the window glass. Previously it was 
decided to use glass to view the condensation process. 


There are two methods available to do this. The first 


Oe 


method is to use a double thickness of glass, with a 
spacer, and blow hot air between the two. The hot air 
would raise the temperature of the outside of the inner 
glass window to the temperature within the test condenser, 
thereby reducing the temperature gradient and the heat flux 
to zero. This would insure that no condensate formed on 
the interior of the glass to obstruct the view. The second 
method, to accomplish the same purpose, is to utilize a 
transparent, electrically conducting coating on the exterior 
of one glass window. The resistance of the coating would 
provide the heat to defog the window and minimize the heat 
Flux. The second method, although more costly, is preferred 
The possibilities of difficulty in observation due to the 
thickness of the framing and poor light transmission due 

to several layers of glass, coupled with the required use 
of an alr heater system, make choice number one less 
attractive. Stress calculations to determine the required 


thickness of the glass are made as follows: i 


The strength properties of float glass are assumed 


to be: 


Breaking strength = 15,000 to 35,000 psi, 
Design strength = 1500 to 6000 psi, 
Coefficient of linear expansion = 4.9 pyin/in-°F, andy 


Modulus of Elasticity = 10 2010 sen ene 


UES, 


The glass is assumed to be a flat plate with fixed supports. 
The glass dimensions are chosen to be 31.125 by 6.375 
inches. These actual figures are used rather than esti- 
mating the reduced dimensions when the glass is installed 
in the frame. 

The working stress used is 1500 psi (safety factor 
er 10) . 


The glass length to width ratio is 


Perea 


a 

b Sees 
iaas implies that 

By = 4055 0.010", 

B 5 = Ones O10; and 

de = Gevzed. 


The maximum stress at the center of the edge 1S given by 


Equation (19) as 











8. qb* : : 2 
ae i _ CeCe > PSijyto0375 in.) 
O 1500 psi 


and therefore the required thickness is 0.451 inches. 


allah 


Maximum stress at the center of the plate is given 


by Equation (21) as 
2 
8 ,qb 


= 5 ae 


Rearranging this formula to solve for thickness gives 


2 
84q6 





0 






Zz 





(0.2500) (15 psi) (6.37 5.emaee 
cS 0 CRs 1 






and the required thickness is 0.319 inches. 
The maximum deflection at the center of the plate 


using 0.50 inch thick glass is given by Equationmgge am 


4 
y _ agb 
Max ee 


CO) se ate psi) (0.50 amg .e 


Or 


5.629 x on inches. 


ke 
i! 


max 


On the basis of these calculations, it is determined that 
0.50 inch thick float glass is sufficiently strong@cmeer] 


test condenser windows. 


TZ 


3. Thermal stresses. Thermal stresses are substantial in a 
Pesionm such as this. To be certain they would not be excessive, 
several calculations were made. It is assumed that the 
window edges have fixed supports and that the electrically 
conducting coating of the external surface of the glass is 


not energized. The bending stress is then given by 


See 
oe sATE/ (1 oe (23) 
with the hot face in compression and the cold face in ten- 
sion [43]. This analysis does not account for the fact 
that the reduced pressure on the hot side tends to alleviate 
the bad effects of the bending. 


Necessary constants used are: 


Poisson's Ratio = v = 0.23, and 


Coefficient of thermal expansion = 4.9 win fin °F. [42] 


The temperature difference is assumed to be 50 °F. Substi- 


tuting the numerical values into Equation (28) yields 


co. = =(50 O eA 229 ae om alo x 10° eal) Wl Om), Cr 


O. = EDO Oe le Sia, 


Due to the factor of safety incorporated in the 


calculations, the undetermined support of the window frame, 


Lvs 


the degree of movement possible at the window boundantleee 
the effect of reduced internal pressure, the conservative 
estimates of temperature rise and glass strength, the 
slightly excessive stress (above 1500 psi) is not con- 
Sidered sufficient to require glass thicker than 0.50 
SRG 

The maximum change in the length of the stainless 
steel frame during a 50 °F temperature rise is calculated 


to be: 
(9.6 x 10 ° in fin °F) (50 °F) = 0.00048 mene 


The maximum change in the length of the glass due to 


temperature rise is calculated to be: 
(4.9 x nai in.fin. °F) (50 °F) = 0.00025¢imene= 


The worst case is then the sum of these two or 0.00073 
inch. A clearance of 0.125 inch, overall, is allowed 
between the frame and the glass. 

The glass chosen is a heavy duty float glass with 
electrically conducting coating PE-81-E made by Daapye 
Owens-Ford Co. The coating has a resistance of 20 ohms per 
Square. The power required is computed using the informatior 


supplied by the manufacturer. 
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The glass heating requires approximately 


ee 2 5 watts/ft.-/°F (temperature rise). Therefore: 


(1.25 W/f£t.-/°F) (1.16 f£t.°) (50°F) = 72.50 Watts or 


a eee 9b 12/7 T < 


4. Fasteners (bolt/stud) selection. Essentially the 
selection for the bolt/stud size is based upon the following 
calculations. It is assumed th t 0.25 diameter (nominal size) 
is sufficient and then all calculations are made to determine 
the possible loading. 


Assumptions: 


Nominal diameter = 0.2500 inches 

External minor diameter of a 1/4 - 28 

2A bolt = 0.2052 inches 

Place Bnteckness = 052500 inches 

Type 304 stainless steel properties: 
Wucl@desenenaqta — 835,000 psi 
Tensile strength = 85,000 psi 


Safety Factor = 2 [44]. 
The two cases considered are: 


Pure Tension, 


iT 


Direct Shear, 


eae 
Ce (30) 
The working strength is found from the relationship, 
Sm 


Substituting numerical values mae les 
S. = 35,0007 2-— a, 5 00m 

For tension the relationship is, 

FP = OA = (17,500 psi) (7(0.2052 in )*/4). 
Solving fOr torce a mwtetds, 
B= 37 or Por. 

For shear the bearing area is determined as a 
Fraction of the major external diameter. Since titemeaae 
hole is not a close fit,it is assumed that one half of 
the supporting semicircle would be applying a shearing 


force. Therefore the area is calculated as; 


A = a=. Gee o Omen 


ic 


ee eee oO mst in (0.2500) /4 x 0.2500). 


Mmiemaoesulting Force, F is 859.03 lbf. For comparison, 
one calculation of the force required to break the threaded 


portion of the bolt is made using the relationship, 


oa (32) 

Serving for A, yields 
A, = 0.7854(D-0.9743/n)* [44] (33) 
Note: S = UTS but Ss. 1s used. The force P then 


1s calculated: 


(ire Sos) s0 7. 854).00. 25007 1n = Omer sy 2a a 


tg 
il 


or 


rg 
i 


63 65) Det OL 


The critical union in the test condenser is the 
flanged surface between the body and the entrance section. 
It 1s calculated that the entrance section weighs approxi- 
mately 100 lbs and that the main body weighs approximately 


350 lbs. Since there are 24 bolts holding these sections 


iil 


together, the total force that could be supported by these 


bolts is; 


20,617 IDE in shear on 


13 , SOOnw bream eens ion 


Therefore, 1/4-28 UNF bolts/studs are considered strong 
enough. 

5. Tube sheet construction. The tube sheets are to be 
0.750 inch thick to accommodate the Swagelok "O" ring 
straight thread connectors (bored out to 0.625 inch diametem 
Also this thickness allows the tubes used for flow simulation 
only to be suspended between the sheets, which are to be 
partially bored tneoucgh Coyne eenea. 

6. Pipe size. The pipe size used in the construction 
of the test condenser and other piping is designed to with- 
stand the maximum pressure the boiler can supply (150 psi). 
Schedule 40 pipe was chosen also because it 1s readily 
available. 

7. Test condenser overpresSurization. The test condense? 
is not designed to withstand large overpressure, although it 
probably would. Consequently a relief valve (Figure 37) is 
installed in the line between the secondary and test 


condensers. It is set at approximately 5 psig. 
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DP ecam Vveleecrey In the entrance region. The entrance 
region of the test condenser contains three flow baffles/ 
condensate collectors. They are spaced to provide nearly 
constant frontal area to the flow. The vapor velocity in 
the area of these baffles is computed to be about 50 ft/sec 
with the maximum output of the presently installed steam 
Semerator. 

9. Flexible connectors for dynamic testing. Flexible 
connectors to be utilized for the condenser rocking and 
tilting portions of the tests are to be installed in initial 
construction for later use. A three foot length of 0.50 inch 
(tube fitting adapted) corrugated stainless steel flexible 
tubing, manufactured by Swagelok, was purchased for the 
condensate connection. The steam connections are 2.50 inches 
diameter by 36 inches long corrugated stainless steel tubes, 
fitted with 2.50 inch butt weld, schedule 40 pipe ends. Marman 
Flexmaster joints are used to couple the large corrugated 
steam tubing to the system. 

10. Flow straightener and backpressure screen. A flow 
Straightener which consists of a stainless steel grid 
Structure, with 0.25 inch wide openings, is positioned 
upstream of the tubes in the test condenser (Figure 38). 
Above the grid, several layers of stainless steel screen 
are to be stacked to provide a backpressure to equalize 


the flow over the length of the tubes. 


eo 


APPENDIX CC: SECONDARY CONDE NSE 
DESIGN CALCULATIONS 





The Design Data Sheet is used in the calculations of 
the size requirements for the secondary condenser. 


The following information is applicable: 


Heliflow Surface Area = 9.63 ft? 


[4 Slee 
Heliflow Cooling water required at 10 ft/sec 
= 35.5 GPM [45] , 
Heliflow Tube length = 8.16 ft [45] , 
Heliflow Number of tubes = 9 a. 
Heliflow Tube type = 5/8 inch diameter copper/ 
nickel — 18 gage (ea el 


Temperature of cooling water = 70 °F (assumed), 


Ah = 1058 Btu/lbm (subcooled to below 90 °F) (4.cela 


Cooling water velocity = 9 ft/sec [4] , 
FOUlLI ng a racher, Fy = 0.85 [4] , 

Material conduction factor, EF, = 0.90 [4 eee 
Inlet cooling water factor, F = 1.0 a ae 
Tube. constant, kK = mem 407 [4]. 


The overall heat transfer coefficient from the Design Data 


Sheet [4] lis: 


U = 270 /¥ = 2700/6 =) eloeta eee (34) 


ee 





The corrected overall heat transfer coefficient is, 
= = — Lies 
ue UF FHF; 620 Btu/hr-ft ae (25) 


The equations from the DDS to calculate the cooling 


water outlet temperature are used as follows: 


te = saturated steam temperature = 126.07 °F, 
Remo a) n2407) _ 5 5 -- oo 
500 V (500) (9) ea 


t= ts - S + = 126.07- aot eo 
e 


The amount of steam that the Heliflow can condense is 


calculated as follows: 


Conte 
: ee esos 5) 
a iad. Sc 00.” (38) 


which yields 


Weel 5) Lom ir. 


If it were assumed that 170 lbm/hr is the desired 


load of the condenser then, 


ez 


the cooling water flow rate would be 


oe ia — (170) (1058) 
© > S00Ce aio hats nn eomeer (39) 
O ae 
= 7) yp ea 


and the cooling surface required is 


LGk _ (8.16) (27.07) (0.2407) 


7 5 (40) 


2 


Bae) il) dic 


Thus uSing the design data sheet which is developed 
from the HEI information (Known to be conservative), it is 
determined that use of the available Heliflow is feasible. 
This is demonstrated in the calculation of condensing area 


required as well as cooling water flow rate required. 
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Poe nee LEST CONDENSER HOT WELL CALCULATIONS 


The assumptions are: 


TR. = 80°F (low to be conservative), 
ftom 
P = 2 psia, 
c 
ae eee Oe.) hint © t. Pee 
u = 2.08 lbm/ft-hr [8], 
Ke =—meeeooo Bcu/hr/Et/°F [8], and 
ze SoZ Zeeeu, lomedt IZ26o°EF [46]. 


The Nusselt Relationship is 


3 1/4 
ofp -p dg neg k 3] (41) 
Never s— 1) i 
Sat WwW 


h = 0.725 


SieseLcoring Ln numerical values yields: 


35.2 2 


(onion pe iam eo ee See-) (3600 Sec/hr) 


ho = 0.725 (2.08 ibm/hr-ft) (5/(8xl2) ft) 


3 1/4 
(TO2Z2eeeuy tom) 0.35 5estu/hr-ft-°F) 


(4°F) 


The resultant average heat transfer coefficient is, 


eo en ese vector 
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The heat transfer is then given by 


q. = RA ee ee are (42) 


Solving for the mass flow rate of the condensate yields: 


sat_"w _ (2613.77 Btu/hr-ft*-°F) _ (5/(8x12) ft) (3 fey 
A “ee 


and the result is 


m = 5.02 lbm/hr = 0.602 gal/hr 
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APPsNpiXx Es  ICALCULATION OF COOLING 
WATER REQULREMENTS 
An alternate method of calculating the cooling water 
required is as follows: 
The assumptions are: 
Cooling water velocity = 9 ft/sec., and 
Diameter of cooling water entrance = 1.25 inches. 


The flow rate 1S given by, 


*) (60 sec/min. ),; 


Q = VA = (9 £t/sec) (1(1.25/12)7/4 £t 
(43) 


which reduces to 


Q = 4.60 Ea aes 


34.43 GPM 


It is realized that the pressure drop would be excessive 
with this flow rate; however, this provides an outside value 
for design purposes. 
The test condenser, in the initial configuration, 
requires cooling water to only one tube. 
The assumptions are: 
Number of tubes = l 
Tube diameter = 5/8 inches 


Tube gage = 18 (0.049 inch thickness) 


eS 


Tube length = 3 feet 


Cooling water velocity = 26 ft/sec (maximum). 


The flow rate iS given by Equation (43) as: 


One 


1D ype ER aniGe sec/min) , 


OQ = VAV=] (26 efc,7 seca 





which yields 


Q = 2.36 ft-/min = 17268 GPM. 


At V = 9 ft/sec, Q = 6.12 GPM. 
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eo fs PEAaEES OF UNCERTAINTY ANALYSIS 


The general form of the Kline and McClintock [32] 
"second order’ equation is used to compute the uncertainty. 
If the resultant, R, 1S some function of primary variables 


Kp rXgreee yr Xe then the uncertainty in R, 6R, 1s given by: 


(44) 





where SXy, 6X5 , oe OX, are the uncertainties in each of 
the measured variables Myr Xoreese, x. 
The overall heat transfer coefficient is given by 


Equation (9). 


By applying Equation (44), Equation (9) becomes: 








Tod 
aoe) fe ee 


T = 

S 
aT) ink = _ 
S CoO Tot Gc e 


ie 


All parameters in the above expression except surface area, 2 
and cooling mass flow rate, m,, are functions of temperature 
primarily and should be found to desired accuracy with relati: 
ease. The dimensions for computing area can be obtained 
without difficulty. The mass flow rate of the cooling watem 
because of the relatively constant properties in the tempera- 
ture range under consideration, can be measured with the 
desired accuracy. 


The Reynolds number is given by 





By applying Equation (44), the Reynolds number uncertainty 


becomes, 


(46) 





D;, the inside diameter of the tube, can be measured 
accurately. Cooling water density o and viscosity u , 


at the temperatures to be considered, can be calculated 


from temperature which can be measured sufficiently 


accurately. 
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(ewe atinatienmumber Leegiven by: 





Applying Equation (44) to the Prandtl number yields; 


(47) 





The Heat Capacity Ce , viscosity uu, and thermal 
conductivity k can be calculated from the measured 
fempecrature. 


The expression for viscosity effect 1s given by 


Applying Equation (44) the uncertainty in the viscosity 


becomes: 


(48) 





io 


Once again, viscosity can be computed from the appropriate 
temperature readings. 

From the above information, the form of the Sieder-Tate 
relationship and its uncertainty, useful in the single tube 
evaluation phase of this test program, can be evaluated. 


The Sieder-Jate relationship is: 


h.D. 
= 211 L 0 


es 0.14 


cm) : 





8) (Pr 


Applying Equation (44) once again gives the uncertainty 


associated with the Nusselt number: 





The uncertainty in the coefficient, 6C,/C, , can be 
found as follows. From the slope of the least squares fit 
of the curve obtained from the Wilson Plot technique (See 


the Data Reduction section), the expression for C; Ss 


oo 


Applying Equation (44) yields: 





a ere § slope, 2 ék, 2 
— (qo + Catope + OE) (50) 


This uncertainty can only be evaluated by visual observation 
of the plotted data, the scatter of the data, and the least 


squares curve fit. 
The desired tubeside heat transfer coefficient he can 


be obtained. The resulting equation is: 


Applying Equation (44) results in the uncertainty in Aes 


as follows: 


(51) 








a 


The steamside heat transfer coefficient is calculated 


from the followinag equation: 





Applying the principle of Equation (44) yields: 





GR ES 

i: es a 
d 

2 

U we) cle 

O aa 


From the foregoing it can be determined that: 

1. The physical size measurements must be as accurate 
as any other measurement taken. Obtaining them 
should present no pazElecularsdvetveutc 7. 

2. Temperature measurements need not be any more 
accurate than can be obtained from well-calibrated 


thermocouples. 


oe 


The greatest effect on the Sieder-Tate relationship 
uncertainty is the Reynolds number. The most 
difficult measurement to be taken affecting the 
Reynolds number is the cooling water velocity or 
flowrate; for example, a one percent deviation in 
the cooling water velocity measurement will result 
in a 0.8 percent error in the results of the Sieder- 
Tate relationship. Therefore, great care must be 


exercised in the cooling water flowrate measurement. 


de 3 eo 


APPENDIX G: CALCULATION OF PRESSURE HEAD OF “fea 
ANNUBAR, PRIMARY FLOW SENSOR [47] 


The assumptions are: 


Pipe size 1.25 inches (ID = 1.380 inches) 


Annubar model =  7ilil=3sio-sso a iguneme 


The expression for the pressure head developed in the 


Annubar as given by the manufacturer [47] is: 


We 2 
h_ zx ae : (52) 
1266 SND“ FLP_V, V¥_ 
where S = KF = 0.778 = 0.62 0s oc cee (53) 


GV 


substituting numerical values gives: 


140 
(.1266) (.638) (2835.0) (1.380) -(1.0) (1.0) (1 .0nncaeen 


which yields, 


Ig = 1.65 inches H.O 
n Z 
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APPENDIX H: 
TEMPERATURE 


PrRObnriteSroreWwATER AS A FUNCTION OF 


The expressions to relate u, k, o0 and Ce to temperature 
are: 
up = exp(0.004606532 T,* -- 4759.5941/T .* - 10.59252566 
ib 
k = 0.32159931 + 0.000697989 T, - 0.12506x10 > m 
~ 0.2072x10 1° ee 
Bie 
eee (55) 
gee O2./0/172 — 0.0043955304 T; - 0.000046076921 a 
Lbin 
may oa (56 ) 
Cy = 1,0121559 = 0.00024618473 Te ~ 0.10282155x10 > joa 


where Te = 


T,*= temperature in degrees R [48] 
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temperature in degrees F, and 


Bit 
co ’ aa) 


OE. 
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